24,  Guy J. Steerman, in September 1980, was chief electri-
cian at the Badger No. 1 Mine.  Steerman was certified by MSHA
as a qualified electrician for both underground and surface
mining operations and Steerman had 10 years mining experience
by September 20, 1980.  Steerman testified that Lambert had al-
ready checked the vacuum breaker with an ohmmeter and had been
unable to determine the cause of the malfunction in the shunt
trip coil.  Lambert had also advised Steerman that there was
continuity in the ground monitoring system.  In such circum-
stances, Steerman asked Lambert to check terminal Nos. 15 and 16
with a voltmeter to determine if there was power on the shunt
trip coil.  Steerman did not think it was hazardous to check the
low-voltage terminal board of the vacuum circuit breaker with
the power on.  The low-voltage terminal board was sufficiently
segregated from the high-voltage components of the vacuum circuit
breaker that Steerman did not consider Lambert to be working on
high-voltage components when he was checking the low-voltage ter-
minal board.  Steerman did not know that Lambert had removed the
protective insulated shield covering the high-voltage compart-
ment in which the high-voltage vacuum circuit breaker was located.
If Steerman had known that Lambert had removed the insulated
shield over the high-voltage components, he would have instructed
Lambert to replace the insulated shield before conducting further
testing or trouble shooting.  Therefore, Steerman did not think
Badger had violated section 75.509 or section 75.803.  Steerman
stated that Lambert knew by talking to Steerman on the phone
when the power was on and when it was off.  Steerman thought
that there was no essential difference between Lambert's telling
Steerman to turn the power on and off and Lambert's coming out
of the mine for the purpose of turning the power on and off.
Therefore, Steerman did not think Badger had violated section
75.511.

25:.  Lowell Junior Tinney, general superintendent of Badger's
No. 1 Mine, testified that he also suggested that Lambert check
terminal Nos. 15 and 16 with the power on and that he had no
reason to doubt Lambert's ability or his care in avoiding expo-
sure to the high-voltage circuits.  Tinney thinks that an elec-
trician should be able to ask another person to turn the power
on and off because he thinks that when an electrician is 4,800
feet from the place where the power is turned on and off, that
person is "unavailable" for personally turning the power on or
off within the meaning of section 75.511.  Tinney also believed
that Badger was following the provisions of section 75.509 be-
cause he believed that it was necessary for Lambert to check
the low-voltage circuits with the power on in his effort to
determine what was wrong with the shunt trip coil.

26. Larry Fortney, Badger's safety director, testified
that the inspectors gave him both the yellow and pink copies
of Order No. 631937 and that neither of those copies had any

883 his crew inby the dangerboard on July 28
